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BILL NO. S-79-n—S 


SPECIAL ORDINANCE NO. S-_ 




AN ORDINANCE approving a blanket purchase 
order - City Utilities Purchase Order 
No. B-1528 for Fire Hydrants for the 
Water Maintenance & Service Department. 


BE IT ORDAINED BY THE COMMON COUNCIL OF THE CITY OF FORT WAYNE, 


INDIANA: 


SECTION 1. That the blanket purchase order - City Utilities 
Purchase Order No. B-1528, dated November 9, 1979, between the City of Fort 
Wayne, by and through the City Utilities Purchasing Agent and the Board of 
Public Works and Treaty Company, for: 


Approximately 150 Mueller A-423 Fire Hydrants for use by 
the Water Maintenance and Service Department, 


all as more particularly set forth in said purchase order, which is on file 
in the Office of the Department of Purchasing and is by reference incorpora¬ 
ted herein and made a part hereof, be and the same is in all things ratified, 
confirmed and approved. 


SECTION 2. That this Ordinance shall be in full force and effect 


from and after its passage hu ■*' ho 




APPROVED AS TO 


William N. Safin, City Attorney 


>RM & LEGALITY 






Read the first time in full and on motion by 


seconded by 




Committee on 


and duly adopted, read the second time by title and referred to the 
_(and'TFie City Pitrrr-eanjjnission for 




recommendation> " ~ and Public Hearing ' t o be - he ' Id ~ ufLer • dutTfegah nu t fc c, at Lh u- C ouncil Chambers, 
City-Ce unty Building, Fori Wayn e",'~Indl~5fra' 
of ~~ 


- ~rthe- 


day 


, 19—, at 


o’clock 


DATE: //-JL?~79 


Read the third time in full and on motion by 


TETSTTT 


CITY CLERK 


— y— 


seconded by_ 






and duly adopted, placed on its passage. 


PASSED (LOST) by the following vote: 


AYES 


TOTAL VOTES 

7 

BURNS 


HINGA 

c — 

HUNTER 

MOSES 

NUCKOLS 

_ 

SCHMIDT. D. 

- - 

SCHMIDT. V. 


STIER 

c—- 

TALARICO 

-- 


DATE: /7 —//- 7/ 


NAYS 


ABSTAINED 


TO-WIT: 



Passed and adopted by the Common Council of the City of Fort Wayne, Indiana, as 

(ZO NING MAP)—(GENERA^) - (ANNEXA T I O N) (SPECIAL) (A PP R OPnL\TION ) ORDINANCE 

* of * 7 . < . 19-7 


j ENE ' RAL) 


(RESOf^fTTONT No S7^S- 77. on the _ //■^ 

ATTEST: (SEAL) 




CITY CLERK " ^FfSIDING OFFICER 

Presented by me to the Mayor of the City of Fort Wayne, Indiana, on the /d 

day of 19-^ at the hour of 77- *’o 'cloc SiM.,E.s.T. 



Approved and signed by me this _ 
at the hour of_ /& o 'clock 


CITY CLERK 
/4^f d ay of 






































































































Bill No, 


S-79-11-58 


your Committee on 


REPORT OF THE COMMITTEE ON 
City utilities 


CITY UTILITIES 


to whom was ■ 


approving a -blanket purchase order - City Utilities Purchase Order 

No. B-1528 for Fire Hydrants for the Water Maintenance & Service 

Department ... . 



JAMES S. STIEE 


/7 CONCURRED IN 
date--CHARLES W. WESTERMA.N, CITY CLERK 


-f- 






































Memorandum 

To H. P. Wehrenberg, Board of Works _ 

p rom Ruth.Winget, Purchasing Department 
dZ Subiect Bid Reference # 549 , Fire Hydrants 


■Date,.. No vemb er . 9 , _ J. ? 79 


COPIES TO: 

E. A. Stanczak 
N. Nagel 
J. Moran 


Attached are tab and bids relating to Purchase Order No. EM528, which 
has been prepared favoring Treaty Company for Est. Qty. (.150). Fire 
Hydrants for 1980 for Water Maintenance & Service Department. Also 
attached is a memo from the Administrative Aide of Water Maintenance 
& Service Department explaining the reasons favoring Treaty Company. 

Please include the attached supporting information when this ordinance 
is submitted to City Council for approval. No confirming Purchase 
Order Number is to be given to Treaty Company until evidence of Council 
approval is furnished to the Purchasing Department. 


COPIES TO: 

E. A. Stanczak 
N. Nagel 
J. Moran 
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Mueller Quote #1264 

CITY OP FORT WAYNE 

jl. JDEPASTMEMT of purchases 

Number One Main St., Ft. Wayne, Ind. 46802 
_ INVITATION 

ti* foil®**** UM *4 


. «J1 jot dwlTWT. I 


James R. Snyder 423- 7057 DEPARTMENT OF PURCHASES 
Room 470, Number One Main St., Ft. Wayne, Ind. 46802 


REQUIRED FOR DELIVERY TO: 


Departs: eat 
eg-Division_ 


Water Maintenance & Service Dept. 


-415 East Wallace Street 
Fort .Wavne,. Indiana 4680V 


Paje—J_of_£- 

Ref. No._549- 

Date September 13, 197 9 


Data wanted - 


.Appropriation No. 


RETURN ORIGINAL TO THE CITY—RETAIN DUPLICATE COPY FOR YOUR FILE 
Closing 


Thursday, October 11, 1979 at 11:30 A. M. - 


tax's i tecs crrr c 


TAX EXEMPT (Unless otherwise indicated) 


FIRE HYDRANTS - 1980 REQUIREMENTS 
Estimated usage- for January 1, 1980 thru December 31, 1980 


The enclosed NON-COLLUSION AFFIDAVIT must be properly executed 
and returned as part of your bid. 


We require a guaranteed firm price for the period January 1, 1‘ 
thru December 31, 1980 and delivery to our yard within 30 days 
notification of release. This will not be a one time purchase, 
It is anticipated that .release quantities will be 25 to 30 
hydrants per release. 


Your parts list, with discounts, must accompany your bid. 


A Blanket Purchase Order will be issued to the successful 
company, after necessary Couftcilmanic Approval, and the 
hydrants are to be delivered only upon Issuance of departmental 
purchase orders. 


Affirmative Action ON FILE: 


ATTACHED: _X 


_ Perfornuuse* Bead 


Bid 3ond_r*qtdr»<L jZ— —_ 

Ter m* 2 cash discount if paid within—10, .days from delivery and acceptance of gooda or completion cf services. - 


PROPOSAL OR BID 




Delivery of any or all cf the items or completion of services indicated shall be made withinXS&ays from receipt of order™ 
IMPORTANT •*-» a itMor In ti* i»»ri of Ui oDili 

im- A ixy farsUli si* I ntorm**o>» rwmwhrf. ibm. 

j .. Us* Omt 

^ MUELLER CO., 


r 


L. 


J 


td f ’/ 0 Afj A Ji \Y >(-. T^ ffales Service V 

J 1401 Waller Avenue 


Chattanooga, TN 
- r/m -. 


10/3/79 
















































SPECIFICATIONS FOR FIRE HYDRANTS 


Fire hydrants used in the construction of water mains, and replacements 
thereof, shall be made in accordance with the latest revision of the 
American Water Works Association Standard, Designated £C-502. 

Fire hydrants shall be constructed such that the main valve closes with 
the line pressure. The main valve opening shall be a minimum of 5" and its 
assembly, including, the drain valve assembly, shall be removable through 
the upper barrel without removal of the nozzle section. The main valve 
seat ring shall thread into a bronze insert located in the shoe of the 
hydrant. All bronze or brass parts shall be constructed of 85-5-5-5% 
waterworks bronze. All flow characteristics of hydrants offered and 
supplied shall meet or exceed those specified in AWWA Standard £C~5Q2. ‘ 

Fire hydrant lower barrels may be constructed of either cast or ductile 
iron; however, all connecting parts, including flanges and hydrant shoe, 
must also be of the same material as the lower barrel. The lower barrel 
shall be of sufficient length so as to connect with the hydrant leg. The 
ground line flange is to be located not less than two (2 M ) inches or 
mere than six (6") inches above the finished grade of the adjacent area 
(normally installed in a 5-|’ deep trench). 

The connection between the upper and lower barrels of hydrants shall be in 
the form of a traffic safety device that will allow rotation of the upper 
barrel in any increment frem 1 to 180 degrees, without disassembly and shall 
not be restricted by bolt hole placement. The upper and lower stem shall 
be joined by a traffic safety stem coupling which, along with the connection 
between the upper and lower barrels, will break on traffic impact. 

The bonnet or top section shall be equipped with a lubricant reservoir or 
chamber designed such that the operating threads of the stem will, at all 
times, be totally enclosed. The operating nut shall have a weather shield 
cast integrally with it, and all pressure seals shall be rubber O-rings. 

Fire hydrants shall be equipped with li" pentagon, operating nut and hose 
nozzle cap removal device; one, 4J" pumper and two, 2i n hose nozzles, each 
with National Standard Fire hose threads of four (4) and seven and one half 
(7£) threads per inch, respectively; they shall be painted Federal Yellow; 
the shoe connection for attachment to the water main shall be 6” mechanical 
joint, complete with accessories, including lead-tipped rubber gaskets, 
designed to fit either centrifugal or pit cast pipe. 
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SPECIFICATIONS FOR FIRE HYDRANTS - continued 

Each bidder offering to furnish fire hydrants to the City of Fort Wayne, Indiana 
shall, as a part of his bid, designate the make and model of hydrant to be 
furnished. Also, each bidder shall furnish two copies of each of the following: 

A) Assembly drawings listing part names, part numbers, material 
and ASTM numbers. 

B) Flow and Design test information from an independent testing 
authority (U.L. or F.M.). 

C) A written statement of compliance or non-compliance to 
specifications. If exceptions are taken they must be listed 
and justified. 


Prepared by: 

D. L. Foland, P. E. 
Chief V/ater Engineer 
7/13/79 

Revised 7/26/79 


The MUELLER,® 5-1/4/ A-423 CENTURION® Hydrant 

complies with AWWA‘Standard C-502. The A-423 

does have a weather shield, but it is not cast integrally 

with operating nut. 

The A-423 will be furnished with a 6" D-150 MJ shoe which 
will fit either Class AB or Class CD pipe by interchange 
of gasket. Lead-tip gasket is not available with the 
D-150 shoe. 



rpitM 


•**n *U 


uf JbUKT wax in & 

^DEPARTMENT OF PURCHASES 
^pna Main St., Ft. Wayne, Ind. 46802 
INVITATION 



-> James R. Snyder 425- 7037 DEPARTMENT OP PURCHASES 
Room 470, Number One Main St., Ft. Wayne, Ind. 46802 


REQUIRED FOR DELIVERY TO: . 

Water Maintenance & Service Dept. 


Department 

ar_Division_ 


415 East Wallace Street 
Fort Wavne. Indiana 03 



of.-JS_ 

549 


n.+» September 

13. 197? 

Data -wanted 

Fond- 


Appropriation No. 



RETURN ORIGINAL TO THE CITY—RETAIN DUPLICATE COPY FOR YOUR FILE 
trw, Thursday, October 111979 at 11:30 A. M. 

Txxsat rax err? ts rmtrr rstoyt ttotsal tz era and Indiana stats saxes tax. rax cm ihdiaxa »t.t« tax xxacrrcrv 
cx3rmcAr3-NU>taxa a no. um. nairas saoum not ingots rasas taxes, sm » ?wm" n^ m « w~4 r<w 't-.ru 

TAX EXEMPT (Unless otherwise indicated) 


FIRE HYDRANTS - 1980 REQUIREMENTS 
Estimated usage for January 1, 1980 thru December 31, 1980 

The enclosed NON-COLLUSION AFFIDAVIT must be properly executed 
and returned as part of your bid. 

We require a guaranteed firm price for the period January 1, 1! 
thru December 31, 1980 and delivery to our yard within 30 days 
notification of release. This will not be a one time purchase 
ft is anticipated that release quantities will be 25 to 30 
hydrants per release. 

Your parts list, with discounts, must accompany your bid. 

A Blanket Purchase Order will be issued to the successful 
company, after necessary CounciImanic Approval, and the 
hydrants are to be delivered only.upon issuance of departmental 
purchase orders. - 

Affirmative Action ON FILE: Yes ATTACHED:_ 


3ld 3m»d_r»«pdr^L.ja:_ .. ______ 

TeipmsII§lL —% cash discount if paid Trithin 


_ Perforraaac 3oad 


-3.Q riaya from delivery- and acceptance of goeda or completion of service*. 


" PROPOSAL OR 3U3 

t t» lJU oeodltioa* izcrvaU U4 utwi^rxirst-wl o8*n «em| «- 
> 94 A b+TTi+** *r» la 

Delivery of any or all of the Items or completion of services indicated shall be made withinlQiays from receipt of order*?: 
IMPORTANT S3* w a** fwto. i» ta. »wd c* « » 

r — — »,■ 


L 


J 



IJLJtf Ff/erft? Piimn 

Pres. 


3427 N. G^nton St. 


at* — 

Ft. Wayns< IN 

10-9-79 
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BRAND NAME: 

KENNEDY 

AMERICAN - DARLING 
TRAVERSE CITY 
WATEROUS 
MUELLER 


CATALOG NO 

K-10B 

B-62B 

H-1-M 

W8-67 

A-419 


EatImated Usage - 150 


Hydrant Traffic Type 5* 6" Bury.*.. S 411.5Q E; 

Add or Deduct for each 6" variation in trench depth. $ 7.10 

Percentage of discount from included parts list. Net 

Quoting American - Darling B62-B 


5-1/4" American-Darling Quik-Fix Hydrant, w/2 2-1/2" 
hose nozzles, 1 -.4-1/2" steamer nozzle, 5'6 M trench, 

6" MJ base w/MJ accessories, including lead tipped 
gasket & weather shield. 

Exceptions to specifications: 

1) Lower barrel is ductile iron; lower barrel flanges 
& base are cast iron. 

2) Weather shield is not cast integrally with operating 
nut. 

FOB: Ft. Wayne, Indiana : 

Terms: Net 30 Days 

NOTE: Acceptance must be made within -60 (sixty) days for 
prices to be firm for 19$0. 










CITY OF FORT WAYNE 

If ' ^DEPARTMENT OF PURCHASES 

” * 0°® Main St., Ft. Wayne, Ind. 46802 

INVITATION 

Pay*. 1 trf 6- . 

R*f- N«. . 549 

QnMkM, MJbjMl t» a. wJltlMt <m Dm nnm WJ, u« » Dm foUnrta* I'M ti 

BMMrlkK «nu«b «tnbM» or nrrlw. far Dm ittmrta mb* u zmsiIomA <UHymt to 

u iWn W, Citation* iksJI !a«hxi* ail chjJTr-a fear deliver. p-a^jda^, »<** Amt*+c tom rrpqr m 

d«+m September 13. 197 : . 

James R. Snyder 423-7037 department OF PURCHASES 

Date wanted 

Room 470, .Number One Main St., Ft. Wayne, Ind. 46802 

Fund 

REQUIRED FOR DELIVERY TO: 

Water Maintenance & Service Dept. 


FoH~ Wavne. Indiana 


RETURN ORIGINAL-TO THE CITY—RETAIN DUPLICATE COPY FOR YOUR FILE 
§m*a£ TitVt Thursday, October 11, 1979 at 11:50 A. M. 


TAX EXEMPT (Unless otherwise indicated) 


3 S»*«fcC*. Swt* »» SorrtM. 


FIRE HYDRANTS - 1980 REQUIREMENTS 
Estimated usage for January 1, 1980 thru December 31, 1980 


The enclosed NON-COLLUSION AFFIDAVIT must be properly executed 
and returned as part of your bid. 


We require a guaranteed firm price for the period January 1, 1‘ 
thru December 31, 1980 and delivery to our yard within 30 days 
notification of release. This will not be a one time purchase 
it is anticipated that release quantities will be 25 to 30 
hydrants per release. 


Your parts list, with discounts, must accompany your bid. 

A Blanket Purchase Order will be issued to the successful 
company, after necessa.ry Counci Imanic Approval, and the 
hydrants are to be delivered only upon issuance of departmental 
purchase orders. 


Affirmative Action ON F!LE:_ 


ATTACHED 


, P*rfor 3 uus« Bond 


3S4 3<rad_r*qnira<L. JZ- -- - CL_ 

2 m ia&r&ttioa- l«-as K®. 11 oa i trutt sSm 

% cash disco cat if paid within dsy a from delivery and acceptance of goods or completion of 3«rric=ea. 


Tei^na 


jf# PROPOSAL OR BID 

In -Hi th* tlm tarit^tSM lot 

am* tr-xa <Uu» ol «io»L 3 t® *arai»i« uj or tiirai ta* It* 

Delivery of any or all of the Items or completion of services indicated shall be mad9 within—days from rscdpt of order”"5 
IMPORTANT FW A* i»iir*ry a y Vi > Art idiaj ffcrt or la Pm td &a & u t»por»M* tW, 

n 


r 




(ZtfT /J£> /£. slTtOdS 


a. 


? /f? /'y 


L. 


JL/zl£& 5ZZL. rs.3 3/ siS 






& ^ r H /o -/a - 














































SPECIFICATIONS FOR FIRE HYDRANTS 



Fire hydrants used in the construction of water mains, and replacements 
thereof , shall be made in accordance with the latest revision of the 
American Water Works Association Standard, Designated #0-502. • 

Fire hydrants shall be constructed such that the main valve closes with 
the line pressure. The main valve opening shall be a minimum of 5" and its 
assembly, including, the drain valve assembly, shall be removable through 
the upper barrel without removal of the nozzle section. The main valve 
seat ring shall thread into a bronze insert located in the shoe of the 
hydrant. All bro nz e or brass parts shall be constructed of 85-5-5-5/S 
waterworks bronze. All flow characteristics of hydrants offered and 
supplied shall meet or exceed those specified in AWWA Standard #C-502. 

Fire hydrant lower barrels may be constructed of either cast or ductile 
iron; however, all connecting parts, including flanges, and hydrant shoe, 
must also be of the same material as the lower barrel. The lower barrel 
shall be of sufficient length so as to connect with' the hydrant leg. The 
ground line flange is to be located not less than too (2") inches or 
more than six (6") inches above the finished grade of the adjacent area 
(normally installed in a 5|' deep trench). 

The connection between the upper and lower barrels of hydrants shall be in 
the form of a traffic safety device that will allow rotation of the upper 
barrel in any increment fran 1 to 180 degrees, without disassembly and shall 
not be restricted by bolt hole placement. The upper and lower stem shall 
be joined by a traffic safety stem coupling which, along with the connection 
between the upper and lower barrels, will break on traffic inpact. 

The bonnet or top section shall be equipped with a lubricant reservoir or 
chamber designed such that the operating threads of the stem will, at all 
times, be totally enclosed. The operating nut shall have a weather shield 
cast integrally with it, and all pressure seals shall be rubber O-rings. 

Fire'hydrants shall be equipped with 14" pentagon, operating nut and hose 
nozzle cap r em ov al device; one, 44" pumper and too, 24” hose nozzles, each 
with National Standard Fire hose threads of four (4) and seven and one half 
(74-) threads per inch, respectively; they shall be painted Federal Yellow; 
the shoe connection for attachment to the water main shall be 6 M mechanical 
joint, complete with accessories, including lead-tipped rubber gaskets, 
designed to fit either centrifugal or pit cast pipe. 
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SPECIFICATIONS FOR FIRE HYDRANTS - continued 

Each bidder offering to furnish fire hydrants, to the City of Fort Wayne, Indiana 
shall, as a part of his bid, designate the make and model of hydrant to be 
furnished. Also, each bidder shall furnish two copies of each of the following: 

A) Assembly drawings listing part names, part numbers, material 
and ASTM numbers. 

B) a nd Design test information from an independent testing 
authority (U.L. or F.M.). 

C) A written statement of compliance or non-compliance to 
specifications. If exceptions are taken they must be listed 
and justified. 


Prepared by: 

D. L. Foland, P. E. 
Chief Water Engineer 
7/13/79 


Revised 7/26/79 
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BRAND NAME: 

KENNEDY 

AMERICAN - DARLING 
TRAVERSE CITY 
WATEROUS 
MUELLER 


CATALOG NO 

K-10B 

B-62B 

H-1-M 

WB-67 

A-419 


Eatimated Usage - 150 

Hydrant Traffic Type 5* 6" Bury.... 

Add or Deduct for each 6 n variation in trench depth, 
Percentage of discount from included parts list.... 


$ oo 


$ /a. oo 

i /Q%' 


tP as .£/* hs & //£?*'?■*’■£ 


#*S~00 / 


/'Ac dA/d 










@ow ®(f if®hit mmm 

CITY UTILITIES 

DEPARTMENT OF PURCHASFS 
CITY-COUNTY BUILDING 
NUMBER ONE EAST MAIN STREET 
FORT WAYNE , INDIANA 46802 


r 


L 


Treaty Company 
Box 40 

Greenville, Ohio 


1 


J 


ORIGIN; „ 
PURCHASE ORDER N Oi->~# 




This number must appear on each pa 
age, packing slip, invoice, bill of ladi 
express receipt and correspondence. 


SHIP TO — 


Water Maintenance & Service Dept. 
415 East Wallace Street 
Fort Wayne, Indiana 46803 


MA.L ALL ^VOICES t T e? - 

GENERAL ACCOUNTING 
4th FLOOR CITY-COUNTY BUILDING 
NUMBER ONE EAST MAIN STREET 
FORT WAYNE , INDIANA 46802 

INVOICE IN DUPLICATE, INCLUDING 
CERTIFICATION AS REQUIRED BY 
INDIANA STATE BOARD OF ACCOUNTS 


EST. QTY 


150 


JRS/pl 


22 - 


154.02 


BLANKET PURCHASE ORDER FOR 
FIRE HYDRANTS 


Mueller A-423 5'6" Bury : 

Add or Deduct for each 6" variation in trench 
depth $9.04 Percentage of discount from 
included par£ list 5% 


418.48/e< 

ESTIMATED 


$62,772 




/ 


: W 






o. 

a. “ 
£1. I 


u 


s y ^ ^ 

'r*vys 








'^TTEMTIO 


N! 


. He 

Show f 

and iiT'T 


>. O. Muir 

r olce. 


inoiana 
her on F 


Account! 

Bldg. 

3302 
-king S!5±) 


Per-Bid Ref .• #549 
2% 10 Net 30 
FIRM PRICE 

SUBJECT TO COUNCILMAN 1C APPROVAL 

Note: Requirements will be released on 

departmental Purchase Orders, against 
this blanket order as required by theu4ing department. 


NOTE: TERMS OF PAYMENT MUST BE SHOWN ON FACE OF INVOICE. OTHERWISE A 2% CASH DISCOUNT WILL BE TAKEN 


SUBJECT 


REVERSE 

















fa l 

-2^i> 


*/<? fos 

7 ^ 





































November 7. 1979 


t.., . Mr. James Snyder - Director of Purchasing, City Utilities 

Subject: Bid Ref. #549 - Fire Hydrants 


We would like to recommend that the bid go to The Treaty Company. They are 
the only one that meet specifications. 


lOiX-jf __ 

Norbert Nagel - Administrative Aide 

Water Maintenance & Service Department 
City Utilities 

NN/dm 


received 

PURCHASING DEPT. 


NOV 81379 


*?i8 l 9 l 10|llil2ilj2 1 3 l 4,5i6 







IrtBULMIIUN Ur BlUi 

BID REF. 549 

DATE: 10/11/79 at IT:30 A.M. 

1TEM• Fi re Hydrants— 

DEPT, w M X S 

Est. 150 

Fire Hydrants 



MueHer Co. 

1401 Mueller Ave. V 1 ' 
Chattanooga, Tenn 37406 


^w- t-'o 

7o — O 


Treaty Company 

4020 Wells St. o.X. 

Ft. Wayne,, In. 46808 

4/i. y/ 

— ~?Za^'3o 

■ 


V.R. Myers Pump 

3427 N. Clinton "f**-- • • 

Ft. Wayne, In. 46808 

7?sJ~!-3t> %o.B. A&/<n 

<£CygCr(. <f— 

• 7. /o 

% - Tu^- 


Water Products 

PO Box 60 

Aurora, Ml. 60507 

"~7U- T&LA. ■ 



Clow Corp. 

51591 US 31 N afrf-.O'K . 

So. Bend, Ind. 46635. 

3f¥.ro 
..; 

f* - 




















r 
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RECORDS OF BIDS ISSUED TO 31 DOERS 


•BID MO._549_ 

I TS-i: FIRF HYDRANT 

DEPARTMENT: W.M. & S. _ 

OPEN PATE: 10-11 TIME: 11:30 


vendor NAME & ADORESS 

0ATE - NAME 810 PICKED UP 

CAROS MAILED 

810 MAILSDj 

returns: 

Mueller Company 

500 W. Eldorado Street 
Decatur, Illinois 62525 



9-18-79 

/o/ I 

/ /0 /7J 

American Darling & Valve 

P.0. Box 2727 

Birmingham, Alabama 35202 



9-18-79 


Wayne Pipe & Supply 

1815 S. Anthony Blvd. 

Ft. Wayne, Indiana 


9-18-79 



V.R. Myers Pump 

3427 N. Clinton St. 

Ft. Wayne, Indiana 46805 

Bob Franke 9/20/79 

9-18-79 


• 

Etna Supply 

530 32nd St. S.E. 

Grand Rapids, Mich. 49508 
Attn: Larry Pottgetter 



10/5/79 
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RECORDS OF 5I0S ISSUED TO 3100ERS 


BID NO. 549 __ 

1 T34: -FIRE HYDRANTS 

DEPARTMENT: w. M a S . 

OPEN DATE: 1Q~1 1 TI ME: 11:30 


VENDOR NAME 4 ADDRESS 

OATE - NAME 310 PICKED UP 

CAROS MAILED 

310 MAlLEQj 

RETURNEE 

Kennedy Valve 

1021 S. Water St. 

Elmira, New York 



9-18-79 


Traverse City Iron Works 
Traverse City, Michi-gan 



9-18-79 


Clow Corporation 

51591 U. S. HiWay 31 North 
South Bend, Indiana 



9-18-79 


Tri-State Plumbing 

1120 Taylor Street 

Ft. Wayne, Indiana 


9-18-79 


' 

Treaty Company 

4020 N. Wells Street 

Ft. Wayne, Indiana 

9-20-79 Paul Pierce 

9-18-79 



Traverse City iron Works 
11861 Cottage Grove Avenue 
Chicago, Illinois 60628 



9-18-79 


American Cast Iron Pipe 

Suite 201 Cherry Creek Offic 
2711 W. 183rd Street 
Homewood, Illinois 60430 

3 Bldg. .. 


9-18-79 


Dresser Mfg. Div. 

Dresser Industries Inc. 
Bradford, Penn. 



9-18-79 


Sidener Supply of Ind 

1680 Lane 

Indianapolis, Ind. 46234 



9-18-79 


Sentry Comm & Industrial 

1105 Division Dr. 

Ft. Wayne, Ind 46803 


9-18-79 




I 





























^^ITY OF FORT WAYNE 

__DBPAKTMEjNT op purchases 

Number One Main St., Ft. Wayne, Ind. 46802 
INVITATION 

. mite-* to tito m tel te . . « Cm r-mn» bmt u. nmM o* ti. toll -tea* U* o< 
■ » n r H» i » s for tec- fim » il u m . iteftote. tetii Mlw «-» cUte-iwtVm 
11 la.late ejjtrx** far eiwlTWT. ?Mjdar, / olrwM rw rrcxy M 


*V'nl ail rwte. ta4 


James R. Snyder 425- 7057 DEPARTMENT OF PURCHASES 
Room 470, Number One Main St., Ft. Wayne, Ind. 46802 


REQUIRED FOR DELIVERY TO: 


Department 
or . D ivision— 


Water Maintenance & Service Dept. 


■415 East Wallace Street 
Fort Wavne. Indiana 46803 
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EeL No. . 5 5 9 . 

Date September 13, 197 

Data wanted __ 


Appropriation No. - 


RETURN ORIGINAL TO THE CITY—RETAIN DUPLICATE COPY FOR YOUR FILE 
Classing 

TW nFtt T,?* Thursday, October 11, 1979 at 11:50 A. M, 


i c r r ra tkbuxa suxs tax 
«u> ta Hidtert- iU. la MS WWW 

TAX EXEMPT (Unless otherwise indicated) 


XuxWi, « SwrkM 


FIRE HYDRANTS - 1980 REQUIREMENTS 
Estimated usage for January 1, 1980 thru December 31, 1980 

The enclosed NON-COLLUSiON AFFIDAVIT must be properly executed 
and returned as part.of your bid. 

We require a guaranteed firm price for the period January 1, 1i 
thru December 31, 1980 and delivery to our yard within 30 days 
notification of release. This will not be a one time purchase 
ft is anticipated that release quantities will be 25 to 30 
hydrants per release. 

Your parts list, with discounts, must accompany your bid. 

A Blanket Purchase Order will be issued to the successful 
company, after necessary CounciImanic Approval, and the 
hydrants are to be delivered only upon issuance of departmental 
purchase orders. ;■ 

Affirmative Action ON FILE:_ 


ATTACHED: 


X 


TERMS: 2% 10th Prox., Net 30 Days 


3id 3erenLr»qttir» c L J2T_ - _CL,_____ 

!m 

Terras % cash discount if paid within. 


_ Perform*®** Bond 


—days from delivery and acceptance of goods or completion of service*. 


PROPOSAL OR BID 


Delivery of any or all of the items or completion of services indicated shall be made withinL5day3 from receipt of orders 
IMPORTANT TO?* dte-Warr U * <WMla* fwtor la *Jto .wri of ta eriwr, t» U Sarwrtonl Ottt ^ titer* 

, - , -,i- ir - - - - - fttraLMi i 

^ ^ ^ Company 

V.P.' 


L 


.. jox ,.40 


...gxae.uy.il.lfi.... 


v 


Ohio 


45331 












































SPECIFICATIONS FOR FIRE HYDRANTS 


Fire hydrants used in the construction of water mains, and replacements 
thereof, shall be made in accordance with the latest revision of the 
American Water Works Association Standard, Designated £0502. 

Fire hydrants, shall be constructed such that the main valve closes with 
the line pressure. The main valve opening shall be a minimum of 5" and its 
assembly, including, the drain valve assembly, shall be removable through 
the upper barrel without removal of the nozzle section. The main valve 
seat ring sh all thread into a bronze insert located in the shoe of the 
hydrant. All bronze or brass parts shall be constructed of 85-5-5-5% 
waterworks bronze. All flow characteristics of hydrants offered and 
supplied shall meet or exceed those specified in AWA Standard £0-502. 

Fire hydrant lower barrels may be constructed of either cast or ductile 
iron; however, all connecting parts, including flanges and hydrant shoe, 
must also be of the same material as the lower barrel. The lower barrel 
shall be of sufficient length so as to connect with the hydrant leg. The 
ground line flange is to be located not less than two (2") inches or 
more than six (6") inches above the finished grade of the adjacent area 
(normally installed in a 5£' deep trench). 

The connection between the upper and lower barrels of hydrants shall be in 
the form of a traffic safety device that mil allow rotation of the upper 
barrel in any increment fran 1 to 180 degrees, without disassembly and shall 
not be restricted by bolt hole placement. The upper and lower stem shall 
be joined by a traffic safety stem coupling which, along with the connection 
between the upper and lower barrels, will break on traffic impact. 

The bonnet or top section shall be equipped with a lubricant reservoir or 
chamber designed such that the operating threads of the stem will, at all 
times, be totally enclosed. The operating nut shall have a weather shield 
cast integrally with it, and all pressure seals shall be rubber O-rings. 

Fire'hydrants shall be equipped with 1J" pentagon, operating nut and hose 
nozzle cap removal device; one, 4J M pumper and two, 2i n hose nozzles, each 
with National Standard Fire hose threads of four (4) and seven and one half 
(7-k) threads per inch, respectively; they shall be painted Federal Yellow; 
the shoe connection for attachment to the water main shall be 6” mechanical 
joint, complete with accessories, including lead—tipped rubber gaskets, 
designed to fit either centrifugal or pit cast pipe. 
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SPECIFICATIONS FOR FIRE HYDRANTS - continued 

Each bidder offering to furnish fire hydrants to the City of Fort Wayne, Indiana, 
shall, as a part of his bid, designate the make and model of hydrant to be' 
furnished. Also, each bidder shall furnish two copies of each of the following: 

A) Assembly drawings listing part names, part numbers, material 
and ASTM numbers. 

B) Flow and Design test information from an independent testing 
authority (U.L. or F.M.). 

C) A written statement of compliance or non-compliance to 
specifications. If exceptions are taken they must be listed 
and justified. 


Prepared by: 

D. L. Foland, P. E. 
Chief Water Engineer 
7/13/79 


Revised 7/26/79 
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BRAND NAME: 

CATALOG NO 

KENNEDY 

K-10B 

AMERICAN - DARLING 

B-62B 

TRAVERSE CITY 

H-1-M 

WATEROUS 

V/B-67 

MUELLER 

jfce&iSc A- 

Eatimated Usage - 150 



Hydrant Traffic Type 5' 6" Bury.... S 418.48 

Add or Deduct for each 6" variation in trench depth...$ • 9>04 

Percentage of discount from included parts list.........$ 5% 













TITLE CF ORDINANCE SPECIAL ORDINANCE - CITY UTILITIES BLANKET PURCHASE ORDER NO. B-1528 - TREATY CC. 


BOARD OF PUBLIC WORKS 




DEPARTMENT REQUESTING ORDINANCE _ 

SYNOPSIS OF ORDINANCE CITY UTILITIES BLANKET PURCHASE ORDER NO. B-1528, TREATY COMPANY FOR 

APPROXIMATELY 150 MUELLER A-423 FIRE HYDRANTS FOR USE BY THE WATER MAINTENANCE & SERVICE DEPT. 


! (MEMORANDUM AND PURCHASE' ORDER ATTACHED) 


! 

i 


EFFECT OF PASSAGEfqr .INSTA LLATION OF NEW FIR E,.HYDRANTS .WHERE.N.ECE.S S AR Y ANP , REPLACEMENT .O.F 
THOSE INOPERATE OR IN DISREPAIR . ; 


EFFECT OF NON-PASSAGE SELF-EXPLANATORY 


MONEY INVOLVED (DIRECT COSTS, EXPENDITURES, SAVINGS) _ FROM CITY UTILITIES 


ASSIGNED TO COMMITTEE 
































